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cross-section, the flow of the treated sewage then continuing
downward, passing several horizontal baffles, and thus thorough
mixing is secured in a vertical plane.
In recent installations, as, for instance, proposed for the joint
sewage disposal -works for Orange, Montclair and East Orange,
N. J-, a venturi meter will regulate the flow of the sewage, and as
the flow through the meter increases or decreases, the difference
in pressure on the two pressure chambers of the meter will regu-
late the ingress of the chloride of lime solution accordingly.
For completing the sterilization, the treated sewage must then
be held for fifteen minutes by passing through & continuous-
flow storage tank,
The total cost of the process, including interest charges upon
the necessary fixtures, labor, and other items, will range from
$1.00 or less in the case of effluents from percolating filters to
about $3.00 in the case of crude sewage, per million gallons.244
We give in the following table an itemized account of the
combined working cost for the three proposed new plants for
sewage disposal by screening, and subsequent sterilizing with
chloride of lime at New Brunswick, N. J., treating respectively
900,000, 3,000,000 and 2,500,000 gallons daily flow.
Per annum.
Superintendent..................'...... $1,200
3 attendants..........................    2,160
Team for handling chemicals and screenings     500
Teamster.............................       600
Chemicals.............................    2,500
Coal..................................    1,500
Power for running screens and conveyors...    1,500
Average cost of repairs and renewals.......       750
Total.............................$10,710
The above statement of cost of operating and maintaining
is taken from the estimate of Messrs, Bering and Fuller in 1911.
The cost mounts up to $4 per 1,000 gallons, owing to the sep-
arate treatment of the 6,400,000 gallons of sewage in three
diSerent localities. The total construction costs of these three
plants was to be $70,000,